GAS SAFETY CERTIFICATE 


This form can be used as a Landlord’s gas safety certificate 


—_— 
engineer Contract Number GOS Landlords Details If Different 
Gas Safe Card Customer Name xo Name 
Engie Office Address Site Address J), oii Flats 4-D Address Sane = 
LE Goes E42 ShofPiely Enter Company 
SO, : Postcode SO | Postcode Registration 
0.38 ; ; i ney Numb 
Received By Signature Rented Accommodatior ‘NO umber 
, Landlords | Service Appliance Details ‘| 
= 
aie ee, ian Location Type ‘ Model Serial Number Bumer Manufacturer | Fae vos 
Pak mom Sxpiem Boras | Come QPo WS 1S\AN\ 224540 Ramen | of 
+o LYS of | Sysienr Keres | Ravenna QP WS 1322S01L 860 (leprewa fue | 
enwence , Gyan Goilos area APo 1S 1514 1124650 Roane c 


7 aE 
General Safety Checks Result’ | General Safety Checks Result Ventilation 
one oc 7 mace pparetingconacty lia Flue termination satisfactory (Yes/No/NA) Yos Low level free area cr? or ventilation flow rate inlet m/h Actual ZISO car® Required Calculcted) ZSTO cpa 
1g there a current gas Installation line diagram at] Has a tightness test been cared out from local Zz TSBO cme 
Sad elie m a eee Qs High level free area cm? or ventilation flow rate extract m/h | Actual Z\4B mw Roquired (Calculated) 1 SBO C 
js the meter installation correct (Yes/No) Yoo Is gas pipework electrically bonded (Yes/No) Yp> All ventilation grills clear and unobstructed (Yes/No) | Yos Fans and/or flue interiacks operating correctly (Yes/No/NA) | w 
a a eae Peeyaa mnevaey sence fited | Ups Details of any faults Remedial Action Taken Comments and calculations 
Gas Installation pipework sleeved and sealed as| ‘Are emergency valve handles in place and 
appropriate (Yes/No) Yp> _| labelled (ves/No) o> 
Is gas. pipework colour coded or identified 2 
(Yea/No/NA) Yps | 20 valves fall to the correct position (Yes/No) ws 
isthe ytornaared naccorancewih | > [area cearateanbusttiomatats Yesme) | ps ; 


7 Ropior | App2or | Appsor | App4or Appi or | App2or | AppSor | Appdor App tor | App2or | AppSor | Appdor 
Appliance Checks App 1 High| App 1 Low | App 2 High| App 2 Low App 1 High| App 1 Low | App 2 High| App 2 Low App 1 High| App 1 Low | App 2 High| App 2 Low 
Flue flow test satisfactory (Yes/Na/NA) Yos o>_| Yo» al SO) CENT) ey nw A Carbon Dioxide [CO,) (36) G4 (Ged. |G.2: 

u ih =) 
Spillage test satisfactory (Yes/No/NA) | Yos os | os seal e pressure (mbar) or heat input KW/h Pm [i aX Excess Air (9) a\ %o 1m | 
a 

Air/Gas switch operating correctly (Yes/No/NA) Yos Yos Yo> Gas rating measured (kW/n / NA) n> fray we CO/CO, Ratio 001 |,cco7 ceo} | 
Flare prog devcws operating correctly 1 Fis Yo Sis Air/gas ratio control setting (%6/NA) ro ~ ey Gross Efficiency (36) aq, ag as 

Burner lock out time (seconds) cer Tel qo Ped Wages en perten mes eas NY 20 as 25 CO flue dilution (ppm) aa) A wa) 
Temperature and limit thermostats operating = < 

carey ion Ch Yes Yoo p> Oxygen (0, %} $.0 14% 4a Standing pressure (mbar) [2S 23 1S 

Heat net input rating data (kW) |r 10 io4+ Ne Carbon Monoxide (COXppmn) 6\ 6L 68 Working pressure (mbar) | 1G Ney 10 

Workshoat No (if used) , S [Declaration of gas safety -| confirm that all of the above work described on this form has been satisfactorily | ls appliance safe for use (Yes/No) | Yo | Yos | “> | 

14911641 completed in accordance with the current Gas Safety (installation and use) regulations, standards and procedures. Has a warning advice notice been raised 
& ay (No oF Warning notice Ser No or No's) none 
oa 2 
checked be mee oe 2 GIS} \ | | Test instrument Ante V3e0 
Entered on database Signature Test Instrument serial number Maitn W3co0 JTQESS4O 


Distribution; White- Customer, Yellow - Service Centre, Pink - Site, Green - Engineer 
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Version Date: February 2015 


‘Security Classification: Unclassified 


